STATUTES AT LARGE

Sec. 5. That the effluent from a septic tank shall not be emptied into
any stream without the special approval of the State Board of Health.
Sec. 6. That where a tile field is to be used that the following test
shall be made: Dig a hole one foot square, and to the depth at which it is
proposed to lay the tile drain. Fill the hole with water to insure thorough
moistening of the soil, and allow the water to seep away. Then while the
bottom of the hole is still moist, fill the hole to a depth of six (6) inches,
and observe the time required for the water level to fall one inch; for
the first minute twelve (12) feet of four inch farm tile is required per
person, two (2) minutes fifteen (15) feet, five (5) minutes twenty (20)
feet, ten (10) minutes thirty (30) feet, thirty .(30) minutes sixty (60)
feet. If more than thirty (30) minutes is required for the water to fall
one inch, a filter shall be used.
Approved and promulgated by the Executve Committee of the State
Board of Health, July 14, 1937.
ARTICLE NO. 22.-SEWER SYSTEMS AND SEWAGE TREAT-
MENT PLANTS
(Filed, secretary state's office-September 29, 1937.)
Section 1. No sewage shall be placed or discharged to flow into any
waters or upon the lands of the State in any manner determined by the
Board to be prejudicially effecting a public water supply or causing a
nuisance.
Sec. 2. No municipality, corporation, company, institution, person or
persons shall install or enter into contract for installing, making any
additions, changes or alterations in a sewer system or sewage treatment
plants until complete plans and specifications fully describing such sew-
age works have been submitted to and have the written approval of
the State Board of Health.
Sec. 3. Upon application accompanied by an outline of any proposed
sewer system or sewage treatment plant, or any changes in existing
sewage works, the general requirements which will meet the approval of
the Board will be outlined. Preliminary or incomplete plans may be sub-
mitted for approval and recommendations, if accompanied by a state-
ment outlining omitted portions, detailed plans for which shall be sub-
mitted for final approval.
Sec. 4. All plans shall be submitted in duplicate, one copy to be re-
tained on file by the Board and one returned to the owner. Plans shall
be approved as to structural, mechanical and electrical features by licensed
engineers before being submitted for approval by the Board and shall
include:
(a) General plans.
(b) Detailed plans.
(c) Specifications.
(d) Engineer's report.
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